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(c) All liquid and vapor connections to containers except filling pipes
and safety relief connections shall be equipped with approved automatic
excess flow valves, except that no excess flow valve is required in the
withdrawal service line, provided that:
1. Thc discharge from the service outlet is controlled by a suitable
manually operated shut-off valve:
(a) threaded directly into the service outlet of the container,
(h) or which is an integral part of a substantial fitting threaded
into or on the service outlet of the container,
(c) or threaded directly into a substantial fitting threaded into or
onl the service outlet of the container.
2. The shut-off valve is equipped with an attached handwheel or the
equivalent.
3. The controlling orifice between the contents of the container and
the outlet of the shut-off valve does not exceed 5/16 in. in diameter for
vapor withdrawal systems and " in. in diameter for liquid withdrawal
systems.
4. An approved pressure-reducing regulator is directly attached to
the outlet of the shut-off valve and is rigidly supported, or that an ap-
proved pressure-reducing regulator is attached to the outlet of the shut-
off valve by means of a suitable flexible connection not longer than
20 in. and is rigidly supported.
S. Such systems' total water capacity does not exceed 1,200 U. S.
gallons.
(d) All inlet and outlet connections except safety relief valves, liquid
level gauging devices and pressure gauges on containers of 1,200 gallons
water capacity, or more, and on any container used to supply fuel di-
rectly to an internal combustion engine, shall be labeled to designate
whether they communicate with vapor or liquid space. Labels may be
on valves.
2,2. Safety Devices.
(a) GENF.RAi,. All safety devices shall comply with the following:
(1) All container safety relief devices shall be located on the con-
tainers and shall have direct communication with the vapor space of
the container.
(2) In industrial and gas manufacturing plants, discharge pipe from
safety relief valves on pipe lines within a building shall discharge ver-
tically upward and shall be piped to a point outside a building.
(3) Safety relief devices discharge terminals shall be so located as
to provide protection against mechanical injury and such discharge
pipes shall be fitted with loose raincaps. Return bends and restrictive
pipe fittings shall not be permitted.
(4) If desired, discharge lines from two or more safety relief de-
vices located on the same unit, or similar lines from two or more dif-
ferent units, may be run into a common discharge header, provided that
the cross sectional area of such header be at least equal to the sum


